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with crystal alum; next open H fully and when water fills tank
close H and replace plug cover H, then open G and H fully.

The coagulant tank connections being small require blowing out
at least once a month; to do this, select time when tank requires
filling and before removing plug cover }, open H and K fully; allow
water to flow from drain pipe one half minute, then close H and
open / and / fully; allow water to flow one half minute, then close

FIG. 38.   PRESSURE FILTER.
7 and K, adjust / to normal position to feed sufficient alum solution
to produce clear filtered water, and proceed as directed above to
fill coagulant time.
The valve L is a back-pressure valve to insure a circulation of
water through the coagulant tank. The amount of back pressure
can be adjusted by nieans of the weights on the lever; raising the
weight decreases the back pressure, and lowering the weight in-